MAY I 3 

INTER-OFFICE COMMUNICATIONS 
Palm Beach County, Florida 


TO: John Sansbury, County Administrator DATE: May 12, 1986 

Lisa Heasley, County Attorney's Office 
Herb Kahlert, County Engineer 
David Bludworth, State Attorney 
Joy Shearer, Asst. Attorney General 
Captain Cook, Sheriff's Dept. -Civil 
Jerry Nolan, Director of Admin. - Sheriff's Office 
John Lehner, Planning, Zoning & Bldg. 

Bob Palchanis, Building Division, Director 
Sandy Sprague .Assistant County Attorney 

Patty Young -4th District Court of Appeals 

Law Library 

(2) County Library - Richard lavarone. Finance. 

Pinky Yount, PBC Municipal League Inc. " Judy Hemberger, Finance 

FROM: John W. Dame, Chief Deputy Clerk 

RE: PALM BEACH COUNTY ORDINANCE DISTRIBUTION 

ORDINANCE NO. 86-11 _ 

TITLE REFERENCE: 


AK ORDI.N'AKCE OF THE BOARD OF COUNTY 
COMMI Ci; I ONERS OF PALM BEACH COUNTY, 
FLORIDA, AMENDING THE CODE OF LAWS AND 
ORDINANCES OF PALM BEACH COUNTY AS 
FOLLOWS; REPEALING THE 1983 PALM BEACH 
COUMTYWIDE AMENDMENTS TO THE NATIONAL 
ELECTRICAL CODE. 1981 EDITION; ADOPTING 
THE 1986 PALM BEACH COUNTYWIDE 

AMENDMENTS TO THE NATIONAL ELECTRICAL 

CODE, 1984 EDITION; PROVIDING FOR 
INTERPRETATION OF CAPTIONS; PROVIDING 

FOR REPEAL 0 F L A W .'' 1 N C 0 N F LI C T; 
PROVIDING FOR SEVERABILITY; PROVIDING 

FOR INCLUSION IN THE CODE OF LAWS AND 

ORDINANCES; PROVIDING FOR APPLICABILITY; 
AND PROVIDING FOR AN EFFECTIVE DATE. 


Attached is a copy of the above referenced. Ordinance of Palm Beach 
County. \ This Ordinance has been filed with Florida Department of State 
and forwarded to Municipal Code Corporation for codification. The 


effective date is 


JWD: 


May 5, 


1986 at 3:23 P.M. 


Signed 



Attachment 

# 

* cc: Commissioners, BCC 
Clerk 
Minutes 


''If ^ complete copy of ordinance is needed, please advise this office 
and we will be happy to provide a copy. 
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'Jl'Df NAMCt: N’' ). 86 1 1 

A>; '.'RDI'.'AN'Ct; OF THE BOARD OF (OjHN'T: 

C M MI Z Z -1 0 N' E F PALM BEACH C 0 H T Y .. 

FLa.iRIDA, amending THE CODE OF LAV/G AMD 

' p DI;; A c E G ■ ■ f p a l m b e a c h c o u n t y a g 
F^'!,LOWG; PEPEALIN'G THE ! 9 8 3 PALM BEACH 
COil n T Y 1-1 IDE A MEMD MEMTS T0 T HE .‘I A TI ■;A L 
E [, E C T P I C A L C' ■ D E , 1 9 81 E D 1 TI 0 M; A D " P T I i; G 

T H E 1 9 5 6 PAL M 3 E A C 11 COM T Y W 1 D K 

A ME MD ME 11 TG T0 THE i; A T I 'JM A L EL ECTP I C A L 
CODE, 1 9 S '4 EDIT! O M; P R (j V 1 DI M G F O I ' 
1 M T E R P P E T A TI 0 1.' 0 F C A P TI 0 Z G; P P'' ' V I D I li G 

For; REPEAL OF LAWG IP’ COMFI.ICT; 

P P, 0 '/IDT M G F O' P, G E V E R A 3 I LI T Y ; P P; Z I DI i; (i 
F n R I >; c [, U G I 0 M I M' T li E C 0 D E 'O' F LA W G A i; D 
0 R DI H A >: C E G; P P 0 VI DI I.' G F 0 R APPLICABILITY; 

A ND PR'0■/1 D I MG F■ R AM EFF ECTI V E DATE. 


WHEREAS, F. G. Chapter 

12':) and 

Florida Statutes 

e fri p o v: G r 

c o u n t i G c 

t o p i" o i d o r o t' t h G 

I'l e a I t h, 

s a r e t y and g e n e v a 1 

w G 1 f a r c 

i n c 1 u d ] n ti; 

the enact (ii e n t and 

c n r ore e rno 

n t or b u1 1d1n g and 

r 0 1 a t o d 

techinical 

c o dec a n d r e g u1 a tic 

• n c; and 




WHEREAS, Chapfcof 7 4-969 Lawc oP Fioi'i'da, ac amended, 

authorizes the Palm Beach County Board o P C o u n t C o mini c c L o n e r, 
upon the advice of the Palm Bench County DuildinC Co, do Advioorv' 
Board, to a d o p t iti r e r .? c o n t c '1 1 1 i n s o V t h e '! a 1 1 o n a 1 E 1 ■: ■: t r i c a I 
Code as a minimum code ofTecti 'e in all of I’alm 3each County, and 


WHEREAS, Ordinance 85-9 adopted the N'ational Electrical Code, 
1 9 8 4 Edition; and 

WHEREAS, Chapter 74-969, Laws of Florida, as amended, allows 
Palm Beach Countj' to adopt by ordinance; amendments to modii'j' and 
improve said code to meet liical c one! i 1 1 ■...•ns, pro'/idod that said 
amendments do not 1-ower tlie standai'ds of th'C minimum cod'’ 
adopted; and 


WHEREAS, Florida P'tatute and Florida law, authiorizes counties 
to deter'mine and set fees to charge for service’s and a c t i ' /1 t i o s 
n e c e r. s a r y to the a d m i n i s t r a t ion C' f an o r d i n a n c e or re c u 1 a t i o n 
enacted pur c u a n t t o 1 a w; a n d 
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WHEREAS 


, fch« a d .j p t: i n of' t fiis amendment will be in the 

public interest by s t r e n gf; he n i n c t fie a t i o na 1 Electrical Cod <?, 
19 8 4 Edition, for t fio hoa 11 fi sa f o t and general welfare of all 
people in the unincorporated arw'a of Palm Beach County; and 

WHEREAS, tfie Br;ard of County Commissioners of [’aim 3eav:li 

County, sitting as t fie 1,oca 1 Planning A-£e tic, hsts de t e rfni ned t fia t 

the proposed a jne ndine n t s to the National Electrical Code, 1984 

Edition, are consistent wi {. h tlie adopted Comprehensive' Plan of 
Palm Beach County-, as i'e q u i r ed b j- Chapter 163, Section 163.31 9 
(2) of Florida Statutes. 

N 0 H, T H E R E F C' f; E, BE IT 0 R D A I If E D B Y THE B C' A R D C F C'U N T Y 

COMMI SSI ONERS OF PALM BEACH COUNTY, FLORIDA, thiat: 

SECTION 1. REPEAL OF 1 983 PALM BEACH C0 NT Y NI D E 

AMENDMENTS T’:' THE NATIONAL ELECTRICAL CODE, 
1931 EDITION. 

The 1983 Palm Beach Countywide Amendments to the National 
Electrical Code, 1981 Edition, Ordinance 83“7, as amended, is 
fierebj' repealed. 

SECTION 2. ADOPTION OF 1 986 PALM BEACH COU.N'TYWIDE 

AMENDMENTS TO THE NATIONAL ELECTRICAL CODE, 
19 8-4 EDITION. 

The 1986 Palm Beach Count.;,'wi do Amendments i. o t.he National 
Electrical Code, 1984 Edition, are hereby adopted, as followc; 


February 21, 1986 
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ARTICLE 80 


NATIONAL ELECTRICAL CODE 1984 EDITION. 


ARTICLE 80 - ADMINISTRATION 
80-1. TITLE AND SCOPE 
(a) TITLE. 

ProvisioriL'- in t. ho f'o.'lowinc chapters and sections shall 
constitute and be knc'V.-n and ina^.' be cited as "Palm Beach County' 

Addendum to 1004 National l-leotrical Code," hereiuarter referrod 

t o as "this code. " 

8 0 -11 a t Title 

The p r c V i s 1 e n s e m b r a e within t ti e f o 1 1 o w i n £ e h a p b e r s a n d 
sections shall con.e t i t u t e and be known and cited as " Fa 1 rn Bear li 
County Addendum to 1981 National Electrical Gede. " 

<: b) CODE REMEDIAL. 

11) GENERAL. This Code is her-eby doolai''>:d to be I'omedial, 
and shall be construed to secure the benef'tcial interest and 
purposes thereof, which are public safety, health and g€>neral 

welfare b^’ reyuiatin;!, i ns t .i 11 a t i o n and maintenance of all 

electrical equipment. 

80-1ib> Code Remedial 

This Go tie IS herel'y d-’c'J.ared to be remedial and siiall be 
e o n a t e t-j e d t .e e n r' e 1; ii i> e n e f't t' i a 1 i n t e r e s i, ,n n ti p u r p a e d there f . 
w (j i e h a 1 ’ e h e ,a 1 t ii .s a ri i t a t, i n ~ e n e r • .a 1 p u b t i c .e .a f e t y a n tJ w 1 f .a r e ; 
b' y regulating i ii s t a 1 1 .a t i o n a n d tiia i n ( e n a n c e o f all e i e ( r i ■' a i 
e q u i pme nt .- 

'■ 2 ) QUALITY CONTROL. Quality control of' materials arid 
workmanship is not witliin the preview of this Code except as it 
relate." to the p 11 r p o s c s s t a t c d h o r e i n. 

(3) PERMITTING AND INSPECTION. The inspection or 

permitting of any building: or pl.ui by Palm Beacfi County, under 
the requirements of this Cc'-de sfiall not be construed in any court, 
as a warranty of tfie pfigsical condition of such building or the 
.adequacy of such plan. No employee of tfie Depcartment nor Palm 
Beacfi Count;/ shall be liable in tort for damages for any defect 
or ha 2 ardous or i 1 legal. o nd ,i 1 1 o n or inadequacy in such building 
or plan, nor foi' any fai lure of ang' component of such building, 
vihich mag’ cu'our u t's c q u c n t tv,’ such inspection or p'crmitt ing. 
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( c) SCOPE. 


< 1) APPLICABILITY. The provici'jnc of thic Code chall appl,- 
to the installation of electrical syotem.s, including alterations, 
repairs, replacement, equipment, appliances, fi.xturos and 
fittings, of ever;/ building or structure or an^" appurtenances 
attached to s u c ii building o i' sir u c t u r o. 

i‘J o t h i n g c o n t a i n e d i n t h i s s o c t i o n o r else u! i •' r i n t ii j ;; C o d •• 
IS to be construed to require a permit under this Code for any 
work involved in the erection, installation, repair, remodeling 
c.'r maintenance of elevators, dumbwaiters, or moving stai rv;ays. 

u c h exception shall, not, h o w e e r, extend to w o r ■ k o n conduct o r s 
and equipment and motors for supplying power t Oi control panels of 
each elevator, dumbwaiter or mo’/ing stairway. 

80-lve.^ Scope 

The provisions of this Code shall .apply to the installation 
of eleefefieal systems, including alteration,- repairs, 

replacement, equipment, appliance,- fixtures, fittings and/or 
appurtenances,- thereto.- 

By nothing contained in this Section or eisewtiere in tliis 
Code is it to be construed that a permit shall be required under 
this Code for any work involved in the erection,- installation,- 
repairingr remodeling and maintenance of elevators,- dumbwaiters 
and moving stairways.- Such e.xeeption shall net,- however,- extend 
to work on eondueters and equipment for supplying power to the 
control panels of each elevator; dumbwaiter or moving stairway.- 

(2) FEDERAL AND STATE AUTHORITY The provisions of this 

Code shall not be held to deprive any F.ederal or State agency, or 
anj- applicable governing body ha.’ing jurisdiction, of anj- power 
or authority which it had on the effective date of the adoption 

of this Code or of any remedy then existing for the enforcement 

of its orders, nor shall it deprive any individual or corporation 
i t s legal right .r. a r. p r o i d c d b 1 w . 

(3) MAINTENANCE. All electrical systems, both existing and 

ne-w, and all parts thereof, shall be maintained in a safe 
condition. All devices .o t' safeguards w h i o hi are t' e q u i r c d b j" this 
code in any building when installed, altered or repaired, shiall 
be maintained in good working order. The owner, or hi .s 

designated agent, shiall be responsible for the maintenance of the 
electrical systems. 

eal-84. doc DS 4 February 21, 1986 
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89-1'rd> Mainlenanee 

Ail eleeferieal system,- both extstini; and new, and all parts 
the reef,- shall be maintained in a safe eenditien.- Alt devices er 
safeguards whieh are required by this Gode shall be maintained in 
geed working order.- The maintenance of electrical systems shall 
be the responsibility of the owner or their designated agent.- 

(4) SERVICE EQUIPMENT. It shall unlawful for any person to 
disconnect, alter, or tamper' v/ith any service equipment such as 
service drop, conductors, meters, or pr ot e c t i e d e ■/i c e s owned b :/ 

a municipal, county, or state agency; a company or corporation 
ii o 1 d i n g a f r a n c li i s e for e 1 e c t. r i o a 1 current for' light, heat, and 
p o v; e r' in the c o u n t y, except duly a u t ii o r i 2 e d agents, lice n secs o r 
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employees of such company or corporation. 


80-lie* Service Equipment 

It shall be unlawful for any person to disconnect,- alter or 
tamper with any service equipment^ such as service drop, 
conductors,- meters or protect i^'e devices owner by a municipal,- 
eounty or State agency,a company or corporation holding a 
franchise for electrical euri^ent for light,- heat and power in the 
county,- except duly authorised agents,- licenses or employees of 
such company or eerporation.- 

( d) ELECTRICAL INSPECTION SECTION. 


There 
Electrical 
Palm Beach 
shall be 


is hereby established a section to be called the 
Inspection Section, within the Building Division of 
County Planning, Zoning and Building Department, which 
in the charge of the Building Official so legally 


designated by the local goe r ni ng body. 


80-20 a) Electrical Inspe^'tion Section 

There is hereby established a section to be called the 
Electrical Inspection SEctien with the Building Division of the 
Planning,- Zoning and Building Department,- which shall be in the 
charge of the Bffjeial so legally designated by the local 
governing body.- 

(1) INSPECTORS QUALIFICATIONS. The Building Official, with 
the approval of the Chief Appointing Authority, may appoint such 
number of office t's, inspectors, assistants and other employees as 


shall be a util on zed from time to time. No person shall be 
appointed as inspector of electrica] systems who has not had at 
least ten (10) years experience as an electrical inspector, 
master e i e c t r i c i a n, j o u r n e y iiia n electrician, engineer, or as a 
superintendent, or foreman in charge of electrical constructions. 

The inspector appointed shall be certified within tvjelve 
(12) months of appointment by the Building Official’s Association 
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of Florida, 
Florida Board 


Southern Building Code Congress 
of Codes and Standards. 


International or 
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80-2fb)- Inspeefeers 

The Bailding Offieial;- with the approval of 
Appointing Authority,- may appoint sueh number of 
assistants and other employees as shall be authorized 
to timer No person shall be appointed as inspector of 
systems who has not had at least five fBl years experience as an 
electrical inspector,- master electrician,- journeyman electrician, 
engineer,- or as a superintendent,- or foreman in charge of 
electrical eonstructions.- 


the Chief 
effieers,- 
from time 
electrical 


(2) RESTRICTIONS ON EMPLOYEES. An officer or employee 
connected with the Department, except one whose only connection 
is as a member of the board established by this Code, shall not 
be financially interested in the furnishings of labor, material 
or appliances for the construction, alternations, or maintenance 
of electrical systems, or in the making of plans or 

specifications thereof, unless they are the owner of such 
building. Such officer or employee sliall not engage in any v;or'k 
which is inconsistent with their duties or with the interest of 


17 the Department. 


18 

80-2Pe)- Restrietien en Employees 

19 ' An officer or employee connected with the Department,- except 

one whose only connection is as a member of the Board established 

20 by this 8’ode shall not be financially interested in the 

furnishings of labor,- material or appliances for the 

21 : construction,- alteration,- or maintenance of electrical 

installations or in the making of plans or of speeifications,*- 

22 unless they are the owner of sueh building.- Sueh officer or 

employee shall not engage in any work which is inconsistent with 

23 their duties or with the interest of the Department.- 

24 (3) RECORDS. The Building Official shall keep, or cause to 

25 be kept, a record of the business of the department. The records 

26 of the department shall be open to public inspection. 


27 

( 4) 

LIABILITY 

Any 

officer or 

employee of Palm Beach 

28 

County, or 

me mb e r 

of the 

Palm Beach 

County Building 

Board of 

29 

Appeals, 

acting foi" the 

applicable 

governing body 

in the 

30 

discharge 

of his 

duties. 

shall not 

thereby render 

hi ms e1f 

31 

personally 

liable. 

and i 

s hereby relie v^ed from all 

personal 

32 

liability, 

for any 

damage 

that may accrue to persons or 

proper!y 


33 " as a result of any act required or permitted in the discharge of 


34 his duties. Any suit brought against any officer or employee or 

35 member because of such act performed by them in the enforcement 

36 
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of any provision of this Code or Laws of Florida, Florida 
Statute, or any rule, regulation, order, or policy shall be 
defended by Palm Beach County until the final termination of the 
proceed!ngs. 

Any suit brought against any former employee of an agency 
for actions said employee may have taken in the lawful discharge 
of his duties while employed by the Department will be defended 
by Palm Beach County. 

80“3(-i)- Li-ability 

Any effieer er employeer ©r member of any board,- charged 
with the enforcement of this cede;- acting for the governing bod- 
in the discharge of their duties,- shall net thereby render 
themselves liable personally and they are hereby relieved from 
all personal liability for any damage that may occur to person or 
property as a result of any act required or permitted in the 
discharge of their duties.- Any suit brought against any officer 
or employee because of such act performed by them in the 
enforcement of any provision of this Code,- shall be defended by 
the agency until the final termination of the proceedings.- Any 
suit brought against any former employee of an agency for 
actionsr said employee may have taken in the discharge of their 
duties while employed by said agency,- will be defended by the 
a ge nc y 


( e) EXISTING BUILDINGS. 

(1) GENERAL. Alterations, repairs or rehabilitation work 
may be made to any existing building without requiring the 
building to comply with all the requirements of this Code 
provided that the alteration, repair or rehabilitation work 
conforms to the requirements of this Code for new construction. 
The Building Official shall determine the extent to which the 
existing system shall be made to conform to the requirements of 
the Code for ne;v construction. 

80-3(-g)- Existing PrefT)ises 

In existing buildings ©r premises in which electrical 
installations are to be altered,- repaired or renovated,- the 
Building Official has discretionary power to permit deviation 
from the provisions of this Cede,- pr’ovided that such a proposal 
to deviate is first submitted for proper determination in order 
that health and safety requirementsr as they pertain to 
electrical installations, shall be observed.- 

•' 2 ) CHANGE OF OCCUPANCY. T f the o c c u p a n c •: 1 a s s i f i c. a t i on 
o f a n c X i s t i n g b i 1 d i n g i s o a n g o .j ^ the b u i 1 d i. n g r. hall b e ivta J o t o 
conform to t li o i n t e n \ of t h <3 C v:- d c a s r e q u i red b;/ the 3 u i 1 d i ri g 
0 f f i c i a 1 . 


1 - f . d (3 (' D f 
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80 - 2. POWERS AND DUTIES OF THE BUILDING OFFICIAL. 

(a) RIGHT OF ENTRY 

(1) Whenever necessary to make an inspection to enforce any 
of the provisions of this Code, or whenever the Building Official 
has reasonable cause to believe that there exists in any building 
or upon any premises any conditions or code violation which makes 
such building or premises unsafe, dangerous or hazardous, the 
Building Official ma^- enter such building or premises at all 
reasonable times to inspect the same or to perform any dutj' 
imposed upon the Building Official by this Code, provided that if 
such building or premises is occupied, he shall first present, 
propel credentials and recjuest entry; and pros’ided further, that 
If such building or premises is unoccupied, he shall first make a 
reac-onable effort to locate ttio owner or other persons ha\'iri£’ 
charge or control of the building or premises and request entry. 
If such entry is refused, the Building Official shall have 
recourse to every remedy provided by law to secure entry. 

(2) When the Building Official shall have first obtained a 
proper inspection warrant or other remedy provided by law to 
secure entry, no owner of occupant or any other persons having 
charge, care or control of any building or premises shall 

i.ail or neglect, after proper request is made as herein provided, 
to promptly permit entry therein by the Building Official for the 
purpose of inspection and examination pursuant to this Code. 
80-3ta>' Right ef Entry 

The Building Official shall enforce the provision of this 
Code and may enter any building,- structure,- or premises to 
perform any duty imposed by this Gode.- 

(b) STOP WORK ORDERS. 

Upon notice from the Building Official, work on any system 
that is being done contrary to the provisions of this Code or in 
a dangerous or unsafe manner, shall immediately cease. Such 
notice shall be in writing and shall be given to the owner of the 
property, or to his agent, or to the person doing the work, or 
posted on the job pr-operty in a conspicuous place, and shall state 
the conditions under which work may be resumed. Where an 
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emergency exists, the Building Official shall not be required to 
give a written notice prior to stopping the work. 


8 0 - 3 f- b )- Step Work 9 r e e. 

Upon notice from the Building Official that work on an 7 * 
electrical installation that is being done contrary to the 
p I* o vis ions of this Code or in a dangerous or unsafe manrier,- shall 
be stopped immediately. Such notice shall be in writing,- stating 
the reason therefor, and shall, be given to the owner of such 
property or to t h e i- r* agent,- or' the person doing the work,- and 
shall state the conditions under which the work may be resumed.- 
Where any emergency exists,- oral notice given by the Building 
-i^fieiai shall be sufficient Followed by notice in writing within 
forty- eight 9481 hours.- 


(c) REVOCATION OF PERMITS 

(1) MISREPRESENTATION OF APPLICATION. The Building Official 
may revoke a permit or approval, issued under the provisions of 
t li i s Code, in c a c e t h e 1' e li a s been any false state in e n t c- f 
mi 3 re present a t i or) as to any material fact in tlic application or 
plans on which the permit or approval was based, in ail cases 
permit fees v;ill not be refunded. 

80-390 R e V o e a 1 1 o n of Permits 

The Building Official may revoke a permit or approval issued 
under the provisions ©f this act in ease there has been any false 
statement of misrepresentatiens as bo the material fact in the 
a pp1 1 e a tion of plans on which the permit or approval was based. 

In all eases permit fees shall net be r^efunded.-- 

(2) VIOLATION OF CODE PROVISIONS. The Building Official may 
revoke a permit upon d e t e r mi n.a t i on that the i ns t a 11 a t i on, 
a 11 e r'a t i on or repair of the e 1 e c t r* i c a 1 s :/s t e rri for v;h 1 c h the 
permit was issued is in violation of, or not in confcrmit;,,' t-.-ith, 
the provisions of this Code. 

( d) UNSAFE BUILDINGS. 

All. e 1 e c t i c a 1 i n r: t a 1 1 . a t i. o n s , r e g a v dies s of type, which 

c o n s 1 1 t u t e an undue h a z a r (J to human life, health, s a f c t o r 

welfare are hereby declared illegal and shall be abated by repair 
and rehabilitation or b demolition in a c c o r'd a n c e v; i t h the 
procedure as outlined in Section 102. 4 - UMSAFE BUILDINGS, of the 

Standard Building Code, as amended. 

80 - 3 ^d9 Unsafe Installations 

All electrical i ns t a 11 a 11 ons r e ga rd 1 es s of type,- which 
constitute an undue hazard to h u ma n life,- h e a .11 h or w e 1 f a r' e are 
hereby declared illegal and shall be abated by repair and 
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pehabi 1 1 feat i on en by demoli-feien i-n ae eon da nee wifeh the proceed an e 
as e a fe i t n e d fen Section ']Q3 : ^ - If n s a f e 3 a i 1 d i n g s of the Standard 

B a i i d fe n g G e d e 


(e) REQUIREMENTS NOT COVERED BY CODE 

Any requirement n o c e s s a r y f o t' the safety, s 1 1 ' e n g t h o r 
stability of an existing or' proposed e 1 ec 1 1 'i ca 1 installation, ov 
for the public safety, health and general v;elfare, not 
specifically covered b;,' this Code, shall be determined by the 
Electrical Inspector, subject to the a p p i" o v a 1 of the Building 


Official. 

8 0 - 31 e fe Requirements Not Covered by Cede 

Any requirement neeessai’y for the safefeyr strength or 
stability of an existing or proposed eleeferfeeal installation,- or 
for the safety of the oe c apa fi t s of fe u 1 1 d i g or structure,- net 
specifically covered by this code,- shall be determined fey the 
Electrical Inspector,- subject to the approval of the Building 
Official.- 


( f) ALTERNATE MATERIALS AND METHODS 

The pr'o vis ions of thiis Code are not intended to prevent the 
use of any material or method of construction not specifically 
prescribed by this Code, provided any such alter'nate has been 
approved by the Building Official. The Building Official shall 
approve anj' such alternate, prc.-ided he finds that the alternate 
fot' the purpose intended is at least the equi^’alent of that 
prescribed in t hi i s Code in q u a 1 i t , s t. r e n g t h, effectiveness, fire 
resistance, d u r a b» i 1 1 t y and safety. The Building ‘..official shall 
require that sufficient evidence or proof be submitted to 
substantiate any claim made regarding the alternate. 

The Building Official may refer materials or methods to the 

Palm Beach County Building Code Advisory Board for approval. 

80-3ff> Alternate Materials and Alternate Methods of 

Installafeions 

Alternate materials and alternate methods of installations 
shall be approved rn accordance with this Secticr^ by the Building 
Official.- See Section 1 0 3 6 of the S t a n d a r'd Building Code € or 
Product Control requirements. 

80-3fhl Evidence ©f Compliance 

The Building Official shall require sufficientevidenee to 
enable a judgment as to whether proposed alternate meets the 
requirements of this code for safety and health. 
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80-3. PERMITS 


( a) REQUIRED. 

( 1 ) Any individual, par t ne r's hi p, firm, corporation or ot he i' 
buoinoGS ori^anizctti. on that is the owner or Icssoc oF property, 
who desires that V' 7 or k as d e s c r' i be d be 1 o w be pe r Fot'me d on said 
owned or leased property, shall make provisions For an applicant, 
p r o p G r 1 j Q u a 1 i F i e d u n d e i' the laws a n d ,' c;) r o r d i n a n e s r e £ u 1 a t i n £ 
the c e r t i F i c a 1 1 o n and 1 i c e n s i n g o F c o n t r a c t o r s, o w n e r b ui 1d e r and 
1 e s s e e - b u i 1 d e I', to File an application 1 ' o r and obtain t hi o 
required permit from thie Building OFFicial pr'ior to commencing 
work For the Following; 

80-4fa> When Required 

A personr F.irm,- or eerporatien shall net do or cause to be 
dene,- any installations,- alterations,- repairs or replacement of 
equipment or systems covered by the previsions ©F this Gode,- 
witheut First having obtained thie proper permit From the Building 
0 F F i e i a 1 

(a) General. Any installation, alter'ation, repair's or 
replacement oF equipment or systems covered by the provisions oF 
this Code. 

(b) Annual Industrial Permits. Upon written request to the 

Building OFFicial, any i nd us t r' i a 1 plant s ha ]. 1 be issued an annual 
permit For' e 1 e c 1 1 ' i c a 1 work, but only to the extent o F p e r'm i 11 i n g 
reasonable altei'natio ns, additions or extensions to existing 
installations oF wiring apparatus or equipment installed, 

contained, or used upon premises or in buildings owned or' 
occupied by the person to vjhom such an annual industrial permit 
is issued. Such a Iter'notion, additions or extensions must be oF 
a minor character and shall be conFined to any existing branch 
circuits and Fixtures, appai'atus or' equipment connected thereto, 
but shall not include the installation or replacement oF set'vice 
conductors, ser\-icc equipment or subFoed circuits up to the Final 
center oF distribution. hio a 11 e t' a t i ons , additions or extensions 
shall be made vj Fii c h w o u 1 d p 1 a c o an o v e i' 1 o a d u p on t h c set' v i c e 
c ond uc t or s , s ub Fe v} d or' t) r a nh Fe o d s e r' vi c e c o rid uc t or*s , . or" oe t' 1 oa d 
the p r o t e c t i •/ e d o i c o s t h t' o u g h w h i c hi electrical o n e r g is a p p 1 j e d . 

8 0 - 4 bA n n u a 1 I n d u s t i a 1 Permits 

i Upon written request to the Building 9 F F i e i a 1,- any 

oa1-84.doc DS 11 February 21, 1986 


1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 

19 

20 

21 

22 

23 

24 

25 

26 

27 

28 

29 

30 

31 

32 

33 

34 

35 

36 


industri-al plan shall be .issued an annual penmife for electrical 
work, bub only to the extent of permittin 3 reasonable 
alterations,- a d d i t i e n s or extensions to existing i n s t a 11 a 11 c n s of 
wiring apparatus or equipment installed,- contained,- or used upon 
premises er in buildings owned or oeeupied by the person to whom 
such an annual industrial permit is issued.- Such a 1 h e r a t i o n e ,- 
additions,- or extensions must; be of a miner eharaetei' and shall 
be confined be any existing branch eireuits and fixtures, 
apparatus or equipment eonneeted thereto,- bub shall not include 
the installation or replacement of service conductors,- service 
equipment er subfeed eireuits up bo the final center of 
distribution.- no alterabrons; additions or extensions shall be 

made which would place an overload upon the service conductors,- 
subfeed or branchfeed service conduetorsr or overload the 
protective devices through which electrical energy is applied r- 

The applicant shall pay an annual fee of One Hundred Dollai'S 
($ 100 ) for each calendar i'car, and permit fees computed monthly 
according to the fee .schedule in Section 80 - 3 (g). 

The applicant shall pay an annual fee of One Hundred 
Dollars i$ 100 > for each calendar ye.ar, and permit fees eefnpubed 
monthly according bo the fee schedule in Section 80-?.- 

The applicant shall regularly employ one or more full time 
electrician(s), competent in the safe installation, extension, 
maintenance and repair of industrial electrical systems and 
equipment, as required by Section 80 - 9 . 

(- 3 ^ The a p p 1 i c a n t s hall re g u 1 a r 1 y employ o n e or more full 

time e 1 ee t r 1 e i a nv s > eompebent in the safe installation,- 

extension,- ma i n t. na no e and I’cpair of industrial electrical 

sysicir,.-^. ,=ir)d equipment, a .e i-equired by .Section 8 0 - 1 .- 

Bujlding Offi.'i.-T r o s •> r vo'the riglit tcheck th-’ 
prc'irij s i'-r of f h'.; perrni i ho’ due ,i' r e , 1 o n , 1.1 e 1 iiTir', i j n 1 -c .s s 

prohibited by go-.-e r nme n t. r e gu 1 1 . i n s.. 

c 4 The 8 u i .1 d i n g 0 f (' i r -1 a 1 r e i*. c r e « | e ( > i h f p e- c li e c t t h e 

premises of there p e r mi i t li e 1 d e r at a reasonable f i- fn e,- unless 
prohibited by government reg'ul.ations.- 

The performance of all work shall comply with the applicable 
p r o v i s i o n .s o r t h i s C o d o . 

(- 8 ) The per forma ni’e of .all work shall comply with the 

applicable provisions of this C o d e .- 

( 8 ) WORK AUTHORIZED. A general permit shall carry v;i t h it 

the right to inst, all in .any building or structure, or part 

thereof electrical systems, equipment, appliances, fixtures and 
fittings or appurtenances, thereto, pro.idcd the same are shown on 
the drawings and set. f o r t ti i. n i. he s p e c i f i c a t i o n s filed w i t li t h c 
application for the permit; but where ttiose are not shown on the 
drawings. and covered by ttio s. f.'O c i f i c a 11 ons submitted with the 
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3 p p ] -i c 3 t i o n j a c> ^ p a r a t p e r m i t o r re ■.* i r: ion to the r i £ i n a 1 p e i" m j t 

may be required. 


(3) INFORMATION REQUIRED. each application for a permit, 
with the requii'ed feo, hall be filed with the Buildinb Official 
on a form furnished for that purpose, and shall contain a general 
d e s c r i pt i n of t hie proposed wor k a nd its 1 ocation. Th 

a p p 1 i c a t i o n s hi a 1 1 be signed b t h e . o v.* n e r, or his a u t h o r i s e d 
agent. The application s iia 1 1 indicate the proposed occupancy of 
all part:;. of the building and shall contain sue hi other 
information as may be required by the Building Official. 

8G-40e> Perm 

Ea.eh appit cation For a permit with the required fee shall be 
filed with t. he Building 9 f f i e i a 1 on a form furnished for that 
purpose,- and shall contain a general description of the proposed 
work and its location.- The applieation shall be signed by the 
owner or their authorized agent.- 


(b) DRAWINGS AND SPECIFICATIONS 

(1) REQUIREMENTS. When required by the Building Official, 

t V7 o or more copies of specifications, and of d i' a v; i n g s d i' a w n to 

scale wit hi sufficient clai’itj' and detail to indicate the natui''c 

and character of the work, shall accompany- the application for a 

permit. Sucli drawings and specifications shall contain 

information, in t ii e form of notes or c; t h e r vv; i s e , as to the q u a 1 i t 

of ma t o r i a 1 s , w hi e r e q u a 1 i t is (essential to con f o r m i t y w i t h t hi i 5 : 

Code. Such information shall be specific, and this Code shall 

not be cited as a whole or" in part, nor shall the term "legal" or' 

its equivalent be used, as a substitute for specific information. 

' 1 2) The plans shall denote calculations for; total connected 

load, the total floor area, the square feet of the building under 

c o n s i d e I" a t i on, the point to whichi the service connection is to be 

made, the size of service and h he subfeed v^ires, the locations of 

s e r" i c e s wi t c hie s and center of d i s 11' 1 b u t i on and 11 1 e a r r a n ge me n t 

of c i r'c ui t s showing t) 1 e number of outlets connected thereto. 

80-4 (d> Drawings and SpeeiFieations (-in parfe> 

Two ( 2 >- sets o F plan s a n d .s p e i F i e a t i o n s r with a e e ffi p 1 e t e 
description o F a 3 i proposed e 1 e c: t. r I c a 1 wo r k, s hi a 1 1 be s u b m i 11 e d 
to t hi e Building F F i e 1 a 1 at the same t i fii e a p p 1 1 e a t i a n is made For 
a building permit,-- iF any.- The plans must be legibly drawn or 
printed to a deFinite scale, one Floor plan being suFFieient 

iP iP can be made to show all the proposed electrical work;- 
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efehepwirse,- few© (-2)- or mere p}-ans shall be submitted.- The plans 
shall denote eaieulatiens For total connected lead,- the total 
floor area,- the square feet of the building under eonsi derat i on,- 
the point to whteh the ser-'^ice connection is to be made,- the size 
of service and the subfeed wires,- the locations or service 
switches and center of distribution and the arrangement of 
Circuits showing the nufnber of outlets connected thereto. 


Copies of all blueprints and drawings of this nature must be 
filed in the Building Division for safekeeping and future 
reference,- if required.- The installation of wiring,- apparatus or’ 
equipment for light,- heat or power within or attached to any 
building or premises,- whether for private or public use,- must be 
accomplished strictly in accordance with the plans and 
specifications submittedr- Any changes or omissions in the wiring 
system sliown on the plans must first be approved by the 3 hi tiding 
Gffieial and such approval noted in writing.- 


( 3) 

details, 


ADDITIONAL DATA. The Building Official may require 
computations, and other data necessary to describe the 


installation and basis of calculations and they shall bear the 


signature of the person responsible for thie design. 


(4) DESIGNER. (See also Attachment 1) 


(a) All drawings, specifications, and accompanying 
data shall bear the name, signature, and address of the designer. 

80-4(-d>- Drawings and specifications (-paragraph 2 in partl 

Al! drawings and specifications and accompanying data shall 
bear the name,- signature and address of the designer.- 

( b) Fm! r s u a n t to C hi a p t e r 4 71 F. S. and Chapter 481 F. S. 
said designer shall be oithier a State Register'ed Architect or a 
State Registered Engineer (or to be exempt therefrom,* and s hi a 1 L 
perform only t hi o s e s e r' v i c e s w hi i c h he is authorized b ;>■ law to 
per f or m. 

Any building or structure other than one (-11 or two e2i 
family dwellings,- and any building upon any farm for the use of 
any farmer,- shall be designed by an architect or engineer legally 
registered under the laws of the State of Florida,- regulating the 
practice of Architecture and Engineering,- and who shall affix 
their official seal and signature and the date of said drawings,- 
specifications and accompanying data,- except that nay electrical 
contractor whose practice is the design and fabrication of 
electrical systems which he installs,-- by virtue of having 
qualified under State Statues or special act or ordinance,- when 
working on any construction project requiring electrical service 
of less than 609 amps in residential,- and less than 800 amps,- 3- 
phase in eemmereial or industrial,- or has a value of Ten Thousand 
Dollars (-$10,-000 > or less,- is not required to register under the 
previsions ©f s.-s.- 471.-001-471.-039 as a registered engineer.- 


(c) EXAMINATION Of DOCUMENTS. 

The Building OfficiaJ shal.I examine or' cause to be examined 
each application for a permit and the accompanying documents 
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consisting of drawings, specifications, computations and 
additional data, and shall ascertain by such exam i. nations whether' 
the installation indicated and described is in accordance with 
the requirements of this Code and all other"' pertinent laws or 
ordinances. 

80“^(-e>- Examination of Drawings 

The Building Gffieial shall examine er cause to be examined 
each applieatien for a permit and the drawings and specifications 
which may be filed therewith,- and shall ascertain by such 
examination whether the installation indicated and described is 
in accordance with the requirements of this Code and all other 
pertinent laws er ordinances.- 


( d) ISSUING PERMITS 

(1) ACTION ON PERMITS. The Building Official shall act 
upon an application for a permit vrithout unreasonable or 
unnecessary delay. If the Building Official is satisfied that 
the work described in an application for a permit and the 
contract documents filed therewith conform to the requirements of 
this Code and other pertinent laws and ot'di nances, he shall issue 
a permit to the applicant. 

80-“5fal Action on Application 

^ r If the Building Official is satisfied that the word 
described in an application for permit and the drawings and 
specifications which may be filed therewith conform to the 
requirements of this Code and other pertinent laws and 
ordinances,- a permit shall be issued to the applicant.- 

(2) REFUSAL TO ISSUE PERMIT. If the application for a 
permit and the accompanying contract documents describing the 
work do not conform to the requirements of this Code or other 
pertinent laws or ordinances, the Building Official shall not 
issue a permit, but shall return the contract documents to the 
applicant with his refusal to issue such permit. Such refusal 
shall, when requested, be in writing and shall contain the reason 
for refusal.. 

80“5fal Action ©n Application 

2 .- If the application for permit and the drawings and 
specifications which may be filed therewith desertbe work whreh 
does not conform to the requirements of this Code or other 
pertinent laws or ordinances,- the Building Official shall not 
issue a permit but shall return the drawings to the applicant 
with the refusal to issue such a permit.- Such refusal,- shall,- 
when requested,- be by letter and shall contain the reasons 
therefor.- 
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1 (e) QUALIFICATION OF APPLICANT. 

2 (1) Application for permits will be accepted only from 

3 contractors currently licensed in their respective field and for 

4 whom no revocation or suspension of license is existing except 

5 that a owner may make application for permit and perform the 

6 work in connection with i:he construction, maintenance, 

7 alterations, or r'epair of a single family residence or two family 

8 residence for hi is own use and occupancy, and not intended for 

9 sale. The construction of more than one residence by an 

10 indi vidual owner' in any twelve (12) month period shall be 

11 construed as contracting, and such owner shall then be required 

12 to be licensed as a contractor. Sue hi licensed contractor or 

13 owner shall be held responsibi.e to the Building Official for all 

14 work covered thcr^eby. 

15 80-5(-e>- Quallfireafeirans of Applicant 

Application For permits will be accepted only From 

16 contractors currently licensed in thetr respective Field and For 
whom no revocation or suspenshon oF license is existing except 

17 that a sole owner may make application For permit and perform the 
work in connection wit hi the construction," ma i n t e na nc e 

18 alterations,- or repair oF a single family residence or two-Family 

residence For his own use and occupaney and not intended for 

19 sale.- Such 1 i c e ns e d c o n t r a t o r or sole owner shall be held 

r e s p o n vS i b 1 e to this 3 u i 1 d i. n g Official for the proper supervision 

20 and conduct For all work covered thereof.- 

21 (2) Electrical contr'acters s ha 1.1 pt'ovide a journeyman or 

22 master electrician that shall actively supervise on site 

23 electrical work. 

24 8G-5Fb>- Conditions of thie Pei’mit 

F41 A journeyman or master electrician shall actively 

25 supervise on the site all electrical werk.- 

26 

27 ( f) CONDITIONS OF THE PERMIT. 

28 (1) PERMIT INTENT. A pei'mit issued shall be construed to 

29 be a license to proceed with the work and shall not be construed 

30 as authority to v i o 1 a t. e , c a n c 1, alter, or set aside any of the 

31 provisions of this Code, nor shall such issuance of a permit 

32 prevent the Building Official F r o fTi t hi e r' e a F t e r requiring a 

33 correction of errors in plans or in construction, or of 

34 violations of this Code. Every permit issued shall become 

35 invalid if: ( 1) the work authorized by such permit is not c o mme n c 

36 
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V7 i t h 1 . n 6 mon t hiG a f t. e /' i t g i s g u a 11 c e or ( 2 } i f the wo r k a u t hior i z e d 
such permit is suspended or abandoned for a period of 6 months 
after the time the work is commenced. 

8 0 - 5 G b)- 6 e n d i t i o ri s e f the P e r m i t 

The Bui-lding Gffieial sFuall aet upon an app]ieation for a 
permit with plans as filed, ov as amended,- without unreasonable 
or unnecessary delay,- A permit issued shall be construed to be a 
license to proceed with the work and shall not be construed as 
authority to viol ate j- cancel,- alter or set aside any of the 
provisions of this Gode, nor shall such issuance of a permit 
prevent the Building Official F t' o fn thereafter r e q u i r i n g a 
correction of errors in plans or in e o n s t imj e t i o nor of 
violations of this Gode: 

Permits may be issued subject to either of the following 
eonditions: 

f ^ Every permit issued shall become null and void unless 
the work authorized by such pe rmi t is commenced v;i t hi n six f 6 I 
months after its issuancer or if the work authorized by such 
permit is suspended or abandoned for a period of six f6> months 
after the time the work is cofFifTieneed. 


( 2) INVALID PERMITS. 

subsequent to recommencement. 


In'.'alid permits must be renewed 
Permits may be r e n e iv e d; subject to 


appoVa 1 by the Building Official 

permit fee, as prescribed in 80-3( 
portion of work t'cmai ni n g or be 
3(g)(1)(b) of t i s Code. In n o 
less than the minimum nor greater 


, for' 3 0% of the then 
g) ( 1 ) ( a) of this Code, 
exejDpt as set forth 
case Fiowever shall this 
than the o rigin a1 p e r m i 


c u r- e n t 
for that 
I n 8 0 - 
fee be 
t fee. 


80“5fb)- Conditions of the Permit 

(-2)- Before work,- for which the permit has,- for any reason, 
become null and void,- may be subsequently e emmie ne e dor 
recommenced,- a new permit shall first be obtained.- A null and 

void permit may be renewed for a prorated amount of the 

original fee,- provided the proposed work eonfof’ms with all 

requirements,- ordinances,- rules and regulations effective at the 

time of such renewal.- 

A courtesy notice may be mailed by the Building 
Official to the permit h o 1 (i e r' advising that said permit is null 
and V e i d .- 


( 3) 


CHANGE OF CONTRACTOR. Chiange of contractors ma' 


b e 


made to a valid p e r'm i t in accord v; i t h the Standard Building Code 


as amended. 


(4) PLANS. Wlion tihe Building Official issues a pct'mit, he 
shall endorse, in writing or by stamp, both sets of plans 
"Reviewed for Code Comp 1 i a nc (3 " . One set of d r a wi ngs . s o r' e i e we d 
shall be retained by the Building Official and t hie o t hie r set 
shall be retu/wiod to the applicant. Tlie permitted di'awings shall 
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be kept at the site of work and shall be open to inspection b:; 

the Building Official or his authorized representative. 

8 0 “ 4 f d > Drawings and S p e i f i e a t ± e n s •: i n parti 

The plans reviewed for code eemp1ia nc e by the Building 
Official er a duly autherized assistant prior i. e the electrical 
permit being obtained and before any electrical work can be 
eemmeneed,- if found in order,- must be stamped.- 


•: g) FEES. 


80-6fai General 

A permit shall not be valid until the fees prescribed in 
this section have been paid,- nor shall an amendment to a permit 
be approved untii the additional fees,- if any,- shall have been 
p a i d 

( 1) GENERAL. 

A permit will. not be valid, nor' issued, until a fee, as 
p r c s c r" i b e d in subsection is) or ( b) has been paid. Mo refund 
will be granted on an^' pet'mit with a fee of less than $10 0.0 0. 


For permits h a *v i n g a fee j. n excess of $1 00.00, 7 0'o of the amount 


over $100. 00 may be refunded, provided a letter of request is 


submitted to the Planning, Zoning and B ui1din g Department s t a tin g 


the permit number and the reason the refund is requested. 
Lette^rs requesting I'ofund must be received by the Planning, 
Zoning and Building Department v;ithin thirty (30) days of the 
permit's date of permit issuance. 


80-b(e> Schedule of Permit Fees 

f 1 > General.- Ho permit shall be issued until t)\e fee 
prescribed under this S e e t i o n shall have been paid.- H o r shall an 
amendment to a permit be approved until the additional fee,- if 
any," due to the a d d i t i e> n a 1 work,- shall have been paid.- Ho refund 
will be granted on any permit with a Fee of less than $^0O.-GG.- 
For permits having a fee in excess of $100.- 0 0,- 70% of the amount 

above $100r00 may be refunded,- provided a letter’ of request is 
submitted to the Planning,- Honing and Building Department,- 
stating the Permit Humber and the reason the refund is requested.- 
Letters requesting refunds must be received by the Planning, 
Honing and Building Department within thirty (-3 0?- days of the 
permit's date of i s s ua nee .- 


(a) Per'mit fee has been prepaid, as pres cribcd in the 

Section 3 of Ordinance 85-37, the 1986 Palm Beach Count j* Building 
Pe t'mi. t Fee Sc hie d u 1 e as amended. 

( b) Permit fee not: p i" e p a j. d :: hi a 11 be calculated as 

prescribed in Section 8 0 - 3( £ ? ( 2) of this Code. 


( 2) FEES. 

Electrical pe r nri i t f e e .s shall, be based on t hiestimated va 1 ue 
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or t.he electrical work as oetforth herein and calculated at 2% 
percent of the value up to $10,00.00 plus, 1% percent of the 
balance over $10,000.00 or fraction thereof. 

Eleebrte Permit Fees fNew Gonstructten)- 


Amperes Amount 


60 

100 

$ 3 0.-00 


800 

6 00 0 


400 

1 G 00 9 

^4 0'4 

6 00 

1 7 6.-09 

601 

800 

4 0 0.-00 

801 

- 1000 

6 0 0G 0 

1901 

- 2 0 0 0 

1 0 0 0 0 0 


Additions and Alterations 

Ghange ©f Service.' of schedule above fineludes ether related 

work.'-. 

Minimum Electric Permit for Residentialr $15.--00 per oecapaney.- 

Minimam Electric Permit for Gommereialr 1-5 eatiets - $15.-00 

per oeeapaney.- 

Minimum Electric Permit for Gomime re i al r Over 5 outlets - $25.-09 

per ©eeupaney.- 

Swimming Poolsr Residential - $15.-00-Gemmereial - $25.-00 

State Appro'ved Modular Home Permits - $20.00 each 

Permit fees will be applied to each tenaneyr 

(3) MINIMUM FEE. The minimum permit fee shall be not less 
that $20. 00. 

(4) ESTIMATED VALUE. 

The estimated /alue shall include the total co.st of the 
electrical v;ork, exclusi-.-e of fixtures and appliances. If in the 
opinion of the Building Offioial, the -/alue is under'stated on the 
application, the perriiit shall be denied, unless applicant can 
show detailed, estimated cost to meet the approval of the 
Building Official. 


( 5) INSPECTION FEES. 

A minimum inspection fee of $25. 00 is established. The 
minimum inspection fee shall a p p 1 j- to code compliance, s t r u c t u t' e 
relocation, demolition condemnation, and r e i ns pe c t i on. A fee ma,.,- 
be charged for each reinspection made, due to tlie fact that work 


was not read;.- as specified at the time of scheduled inspection oi' 

because work did not tneet code r e i ns pe o t, i o n. 

80-6Pe> Schedule of Permit Fees Pin parti 

An inspection fee of $10.-00 may be charged for each 
reinspeetion made due to the rejection work,- or due to the fact 
that work was net ready at the time specified in the request for 
inspection,- or failure to call for inspection.- Payment of such 
fee must be made prior to the reinspeetion.- 
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RECORDS. 


( 6 ) 


The Build in g OTficial ciiall keep a permanent and accurate 
account of all permit feer, and other monier. collected, the names 
of all persons upon whose account the same was paid, and the data 
and amount thereof. 


80-6fe) Schedule of Perm.it Fees 

02.'- Records.- The Building Official shall keep a permanent 
and accurate aecf^unt of al permit fees and other monies 
eolleetedf the name of all persons upon whose account the same 
was paid,- and the date and amount thereof.- 


(7) FAILURE TO OBTAIN A PERMIT. 

The permit fee shall be four’ ( 4) times that specified in 


Section 80-3i 4) should v.’ork have been commenced prior to 


issuance of a permit as required by this code. 


80-6ib> Failure to Obtain a Permit 

If any person commences any work an an installation before 
obtaining the n e e e s s a r y p e r tri i t from t e Building C' f f i e i a 1 ,- the 
permit f'ee shall be doubled. 


( h) INSPECTIONS. 

(1) EXISTING BUILDING INSPECTIONS. Before issuing a permit 
the Building Official may examine or cause to be examined any 
building for which an application has been received for a permit 
to extend, add, alter, or repair the electrical .stern. He shall 
inspect all birildings and s f. r uc t ui'e s, from time to time, during 
and upon completion of the wor'k for which a permit was issued. 
He shall make a record of every such examination and inspection. 


80-7fa>- General 

0 1)- Before issuing a permit,- the Building Official or 
authorized agent may examine or eaiise to be examined,- any 
building or site at or in which the wor’k is to be dene.- All 
electrical work shall be inspected from time to time during and 
upon completion of the work For which a permit is issued.- A 
r eeor’d shall be made of every such e xamt nat i on and inspection and 
of .all -■ i o 1 a t i o n .e o. f the Code.- 


! ?.) MANUFACTURERS AND FABRICATIONS. ”hon deemed necessary 
by the Biii 1 u i iig ''■'ffi c i a 1 , he ha] 1 tiiake ."in j n.specti on of' 
materials oi’ a s mb 1 i •'.s .it i he p. :• i ai. 'if ii.,t n u f a e t u r 'i’ 

fabrication. lie r; hall rriake a tv? cord of e'.’erj’ such e x ..i mi ri a t i o n 

a n d i n s p e c t i o n. 

•: 3) INSPECTION PRIOR TO ISSUANCE OF CERTIFICATE. The 
Building Official shall inspect of cause to be inspected at 
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v a r' i 0 us in t e r ' 

a 1 £ all 

c 0 n s t r' u c 1 1 0 n c;-1' 

woi' k 

for' 

v; hi i c hi a 

pez'mit 13 

r e q i-i i t' e d, an d 

a fin a 1 

i n s. p 0 c t i (5 n s h a J ] 

be made 

of every 

building 

01" s t r’ u c t u r- e 

u p 0 n c 

2 0 rn p 1 e t 1 0 n, p r' i 0 r 

to 

t he 

i s s u a n c 

0 0 f t h 


C e r t i f i c a t o o r 0 o c u p a n c . 

' POSTING OF PERMIT. > o r k i* q u i r i n ^ a b u i 1 cl i n £ p v? i'm i t 
r^hall not commonco until the permit holder or i 3 aoent posts the 
building permit card in a conspicuous place on the premises. The 
permit shall be protected from the weather arid located in such 
p o s i t i o n a s t o a 11 o V7 t hi e 3 u i 1. d i n g f f i c i a 1 t o . c o n e n i o n 11 j' m a V; c 
the required entries thereon. This permit card shall 
maintained in s u c hi p o s i 1. i o n b j t he permit huj 1 d e r until t hi e 
Certificate of Occupancy' is issued b j the Building (' f f i c i a 1 . 

(3) REQUIRED INSPECTIONS. The Building Official, upon 
notification from the permit holder or his agent, shall make the 
following inspections of buildings and such other inspections as 
ma y be n e c e s s a r y, a n d hi a 1 1 e 1 t hi e r a p p r o v o t li a, t p o z' 1 1 j 1 o f t h e 
construction as completed or shall notify the permit holder or 
hiis agent of any violations to comply withi this Code: 

80-?f-a:*- General 

^ 3 f- The E 1 e c t i e a } Inspector e r a u t h o 1 -'’ i 12 e d agentupon 
proper notification fre^m the permit holder, shall make the 
following inspect ion of electrical work, togethier with such other 
ins pee tie ns as may be necessary,- and shall approve that portion 
ef the electrical work of the stages listed below,- or shall 
notify the permit holder’,- or' agent,- whierein thie same fails to 
comply with the reejuirements of the Code.- 

( a) FIRST INSPECTION: A f t e r all the wi r' in g has been run 

and the panel has been installed and ma d e up, c r w ire and 
circuits properly t a gged wi t hi the number of outlets, before i t. 
has been covered, other' than to p r o vide required m e c hi a n i c I 
p r" o t e c I i on, t hu;* inspector shall examine same. He shall make s uc hi 
observations and measurements, togethier with tests, as may b-'- 
r'equir’cd to determine whether' the woi'k complies with the Code. 
Where wiring or' circuits have been lagged, in lieu of panel rriake- 
u p, the tags s h a 1 ]. remain u n t i ]. the panel has been finally made 
up, inspected and approved by the inspector. Inspector' may waive 
the test requirements if the electrical c (D n t r' a c t o r' shows proof to 
the inspector that installation will comply wjth Code. 

8 Q - r f a >• General 
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^3:--a> F±r.= fc Inspeetion: A F t. e all the Hiring has been run 

and the panel has been installed and made 
ei-reuifes properly hagged wif:h the 
has been covered, other than to 
p r o t- e e 11- 0 n j- the i- n s p e e t o f’ shall 


observations and measurenrients. 


up,- or wire and 
n u ffi b e r o f o u t 1 e t s b e F o r e i t 

pro\"ide required mechanical 
? X a ffi i n e s a nrieHe shall make such 


together with tests, as may be 
required to determine whether the work complies with the Cede- 
Where wiring er eirenits ha^e been tagged,- in lien af panel make¬ 
up,- the tags shall remain until the panel has been finally made 
up and inspected and appro--:^ed by the inspector.- Inspector 
waive the test requirements,- provided the electrical 
shews proof to the inspector that installation 
e © d e 


may 

contractor 
Will comply With 


(b) FINAL INSPECTION: The Building Orficial shall make^ 

or cause to be made a Tina] inspection of all electrical work in 
buildings upon completion thereof, prior to the issuance of the 
Certificate of Occupancy. 

Official shall 
all electrical 
to the issuance 

No owner or agent shall allow any new building to be 
occupied by any person until after the electrical work in said 
building shall have been approved by the Building Official. No 
equipment regulated by this Code shall be conneictod to the po wet- 
supply and placed in normal operation until it complies with all 
applicable requirements of this Code and final inspection 
approval has been issued. The servicing utility company shall 
not connect the power supply until notified by the Building 
Official. 


80-7fat General 

f.ikfb.'- Final I na pe c fc i ons; The Building 
make,- or eause fee be made a final inspeefcien of 
work in buildings upon eomplefcien thereof,- prior 
of the Certificate of Occupancy. 


8Q-7ta,'- General 

14> Mo owner or agent shall allow any new building to be 
eeeupied by any person until after the eleeferieai work in said 
building shall ha-ve been approved by the Building Official.- Mo 
equipment regulated by this Gede shall be eenneefeed to the power 
supply and placed in normal operation until it complies with all 
applicable requirements of this Gede and a final inspection 
approval has been issued.- The servicing utility company shall 
not connect the power supply until notified by the Building 
Official.- 


(b) WRITTEN APPROVAL. Work shall not be done on any part 
of building or structure beyond the point indicated in each 
successive inspection without: first obtaining the written 

approval of the Building Official. Sucti written appt ' o V a1 shall 
be giv/en onl5/' after' an inspection has been made of successive 
step in the const: ruction as indicated by each of the foregoing 
two inspections. The signed per'rnit card for' that specific inspection 
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shall constitute written approval 


( 7) AFFIDAVIT. Where the c o n s t r' u c t i o n i n v o 1 v e s s u c [i a r* o .. i .s 


as are certiTied as "classified" by the applicable United States 
Government Security Office of a facility engaged in activities 
relating to the national defense, the Building Official may 
accept, in lieu of inspection, an affidavit by an architect or 
engineer registered in Florida certifying conformance of the 
Code. 


General 

f2>- Where the construct Ion Involves such 
certified to be '-‘classified- by the applicable 
Government Security Office of a facility engaged 
relating to the nataronal defense,- the Building 
accept,- in lieu of inspection, an affidavit by an 


areas as are 
Unrted States 
in activities 
©fficial may 
architect or 


engtneer 
6 o d e 


registered 


in Florida certifying conformance to the 


80-4 TESTS. 

The Building Official may require tests or test reports as proof 
of compliance of alternates. Required tests are to be made at 
the expense of the owner, or his agent, by an approved testing 
laboratory or other approved agency. 

80-3fi> Test 

When there is sufficient evidence to substantiate claims for 
alternates,- the Building Official may require test of compliance 
as proof to be made by an approved agency at the expense of the 
applicant." Test shall be made by in accordance with general 
recognized standards;- however,- in the absence of such standards 
the Building ©fficial shall specify the test procedure.- 

Teats may be required to be repeated,- if at any time,- there 
is reason to believe that an alternate no longer conforms to the 
requirements on which its approval was based.- 


80-5 BOARD OF ADJUSTMENT AND APPEALS 

The Palm Beach County Building Board of Appeals, established 
pursuant to Chapter 65*2051, Laws of Florida, shall hear; among 
other things, all appeals concerning interpretations and 
enforcement of this Code. In addition, any person aggrieved by 
any provisions set forth in this Code may seek administration 
reliefthroughtlieBoard. 

80-2fd>- Board of Adjustments and Appeals 

The Board of Adjustment and Appeals,- as established by 
Section 111 of the Standard Building Code,- shall hear all appeals 
concerning the interpretation and enforcement of this Gede.- 
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80-6 BUILDING CODE ADVISORY BOARD. 


The Palm Beach county Building Code Advisory Board, 
established pursuant to Chapter 74-56B, Laws of Florida and the 
Standard Building Code as amended, may among other things act as 
a clearinghouse for approval of new products for Palm Beach 
County. 

80-7 VALIDITY 

If any section, subsect, ion, sentence, clause, phrase or word 
of tliis Code is for' any reason held to be invalid or 
unconstitutional, such decision stiall not affect the validity of 
the remaining portio/is of this Code. 

80-9 Valielirfey 

If any section,- sub-seetien,- sentence,- clause or phrase of 
this erdinanee is for any reason held to be uncenstitutional,- 
sueh decision shall not affect the validity of the remaining 
portion of this Code. 


80-8 VIOLATIONS AND PENALTIES 

Any contractor, person, firm, corporation or agent who shall 
violate any provision of this Code, or fail to comply therewith, 
or with any of the requi r'ement s thereof, shall be guilty of a 
County Ordinance violation. Each such person shall be deemed 
guilty of a separate offense for each and every day or portion 
thereof during which any violation of any of the provisions of 
this Code is committed or continued, and upon conviction of anj' 
such violation, such person shall be punished in accordance with 
Section 125.60 F. S. which provides for a fine up to five hundred 
($500.00) dollars, or by imprisonment not to exceed sixty (60) 
days, or by a combination of both fine and imprisonment. In no 
case, however shall the fine be less than fifty ($50.00) 
dollars. 


80-8 Vielafeiens and Penalties 

Any person,- firm or corporation who shall violate a 
provision of this code,- or fail to comply therewith,- or with any 
of the requirements thereof,- shall be guilty of m isde meaner.- 
Each such person shall be deemed guilty of a separate offense for 
each and every day or portion thereof during which any violation 
of any of the provisions of this cede is committed or eontinuedj- 
and upon convict ion of any such violation,- such person shall be 
punished by a fine of not less than fifty Dollars t-$50.-0O>' nor 
more than five hundred dollars (-$500.-00)-,- or by imprisonment net 
exceeding six (-6) months,- or by both such fine and imprisonment .- 
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80-9 DEFINITIONS; 


Definitions 


DEPARTMENT - As used in this code shall mean the 
Division of Palm Beach County, Planning, Zoning and 
Department. 


Building 
Bui 1 d i n g 


INDUSTRIAL PLANT ELECTRICAL 

person regularly employed in an 
electrical work solely on behalf of 
the premises of their employer’s i 
t r a i n i n g n d t e c h ii i r a 1 k frw 1 e d .g« t 
electrical vior-k pc r mi 11 c? d to be d 


MAINTENANCE SUPERVISOR: A 

industrial plant to perform 
their' employer and onl ;>• upcoi 
n d u s t r i a 1 plant, qualified b 
o p 1 a n , 1 a - n 1 , i n d u per v i r. • ■ 

Oitie under annual industrial 


Must ho certifi-d .-.ir. a Ma 
E1 e c 1 1 " i c a 1 C o n t r ,r e t o r. 


i ■ E 1 c 0 t; r j r j. an or a ti d an d 


.1 n d u s t r i a 1 Plant R 1 e r; t r i c a 1 Maintenance S u p e r — i a o r A 

person regularly employed in an industrial plant to perform 
electrical work solely on behalf of bhei-r employer and only upon 
the premises of fehetr employer- s industrial plant,- qualified fey- 
training and technical knowledge to plan,- lay-out and supervise 
electrical work permitted to be done under annual industrial 
permits.- Must be certified as a Master Electrician or an 
Electrical G o n t r a e t o r. 


INDUSTRIAL PLANT MAINTENANCE ELECTRICIAN: A person 

regularly employed in an industrial plant to per'form electrical 
work solely on behalf of their employer and upon the premises of 
their employer's industrial plant and under the supei'Vjsion of aji 
industrial plcint electrical maintenance super*, is or. Must be a 
J o ur ne yma n e 1 o c t i* i c i a n. 


I n d H a t f' i a 1 P 1 a i n t M a i n t e n a n c e E1 e e t r i e i a ri A person 

regulaily employed in an industrial plant to perform electrical 
work solely on behalf of their employer and upon the premises of 
their empl©-er-s industrial plant and under the supervision of an 
industrial plant electrical maintenance supervisor.- Must be a 
journeyman eleetrieian.- 


ELECTRICIAN A person 'who is engaged in tlie electrical trade 
ot business and is qualified under the terms and preov'isions 
of this Code. 


Electrician: A person who is engaged in the electrical 

trade or business and who is qualified under the terms and 

provisions of this Code .- 

ELECTRICIAN APPRENTICE: A f) o r s (.:> n who is e n g a g e d i i i 1 e r n i n £ 

the electrical trade by v; o r k i n g: with a r*! d unde r' the s i i p e r' v i s i o n o f' 

j our ne yma n electrician who o 1 d s a valid Certificate of 
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Competency and who shall be held responsible for the work of such 
apprenti ce. 


Electric iari Apprentice: A person who is engaged tn learning 
the electrical trade by working with and under the supervision of 
a journeyman electrician who holds a valid certificate of 
competency and who shall be held responsible for the work of such 
apprentiee.- 


JOURNEYMAN ELECTRICIAN; A 
and/or education to perform work 
certified by the Palm Beach 
Licensing Board. 


person cjualified by experience 
in the electrical trade must be 
County Construction Industry 


deurneyman Electrician: A person qualified by experience 

and/or education to perform work in the electrical trade.- Must 
be certified by the Palm Beach County Construction Industry 
L i e e n s i n g Board.- 


MAINTENANCE ELECTRICIAN: A person who 

qualifications prescribed in this Section for 
electrician," blit who must be regularly employed 
make minor repairs to the electrical wiring, 
equipment which is installed, contained and used 


possesses tlie 
a "journeyman 
to mai ritai n and 
apparatus and 
upon premise;;; 


or in the buildings owned, occupied or controlled by the 
whom the maintenance electrician is employed. 


Maintenance Electrician A person who pesse,sses the 
qualifications prescribed in this Section for a j eur ne yma n 
electrician,- but who must be regularly employed be maintain and 
make miner repairs bo the electrical wiring,- apparatus and 
equipment which is installed,- contained,- and used upon premises 
or in the buildings owne(J,- oeeupied,- or controlled by the person 
by whom the mainbenaneje eleetrieian is employ'ed. 

MASTER ELECTRICIAN: A person who possesses the necessary 
qualifications, training, and technical knowledge to plan, layout 
and supervise t iie installation of electrical wiring, apparatus or 
equipment for light, heat, or power, as covered by the terms and 
provisions of this Article v.dio is certified by the Palm Beach 
County Construction Industrial Licensing Board or Chapter 4S9 
F. S. , or who is other'wise in compliance therewith. 


Master Eleetrieian: A person who possesses the neees.sary 
qualifications,- braining,- and technical knowledge to plan,- lay¬ 
out and supervise the installation of eleetrieal wiring,- 
apparabus or equipment for light,- heatf or power as covered by 
the terms and provisions of this Arbiele.- 
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21Q-l^ :: SCQEE 

210-^ Amended fe o read, as Follows 

Antlfila 2 .IQ 1 .I Delete and substitute the rollowing;_ 

The provisions of this Article apply to branch circuits 
s upp 1 ^ 1 n 1 i 3 h t i n 3 or a p p 1 L a nc' e loads or c o iti b i n a t i ons cF bot hi, 
Where motors or motor-opera ted appliances are connected to any 
branch circuit t lia t. also supplies 1 i ghi t i iig or other appliance 
loads, the provisions of botli this Article and Article 430 shall 
P P1 y. Article 4 30 applies w hi e r e a branch circuit s u p p 1 1 e s m o tor 
loads o n 1 Branch c i i' c u i t s shall be plainly marked at t hi o 

overcurrent protective device so they can be quickly and 
positively identified. 

- £QLQR £Q£& E£E BRAN£e £LR£ULI5.. Add paragraph LQ.L^ 

Lcl Uli£RQUli£E£ £Q11£!J£IQRS £QLQR £QEEl 

Ungrounded conductors operating at voltages not exceeding 
15.Q. Yplt^s a^ grpund,_ ohal]_ be i.denti_rped by an put_er covering or 
fI]nLki.n£ at termination or pplpce of black,^ red or blue^ 
UnSnpunded conductors operating at voltages exceeding 1^0 volts 
to £rpund shall be identified by an outer covering or marking at 
termination or splice of brown,_ purple or yellow^ 

The above applies to color code for seryiceG,_ 
feeders and branch circuits of three L2.L 
phase systems^ 


£l£zE£.- z £ENERAL^ 

210-50 Add to existing Articles 
Add new SukParagraphs Ldg and 

•' d) Any building to be used for oth(M^ thaii office 
occupancies, warehousing pur'poses or residences shall have 
receptacles installed a minimum of each twenty feet (20') of 
unencumbered wall space. A]] t'eceptacles shall be installed at 
accessible locations and this accessibility' shall be maintained 
regardless of wall fixtures or' other modifications. Office 
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installed each twelve feet (12') 


occupancy shall have r'ocoptacles 
of unencumbered wall space Rocep^ac^es no^ repaired in wareliouses 
Lstorape 

( e) All air-conditionino and heating components installed 
on a roof or in an attic shall have an accessible external 
disconnect switch and an 110-120 volt A/C ^rounding type 
convenience outlet c on'/e n i e nt. to the general equipment area. 

- GHELLLHS UHLI RE£EEIA£LE QUILEIS^ 

210-52 A el d to existing A r t i e' 1 e: - 
Add Subparagraph LSLl 

( £) In each branch circuit panel board of any one and two 
family dwelling units, there shall be a minimum of two (2) extra 
spaces for fuse holders or breakers for future use. An empt^' 
raceway terminating in an accessible attic or an empty raceway 
terminating an accessible place, either undci' the floor or to tlie 
exterior of the building above finish grade shall be installed. 

- LLSHILMa QUILEIS EESULEEE^ 

210-70 Add te extating Artioler 
Add new paragraph (_c 

( c) In an attic, a light controlled by a switch located .at 
the required passageway opening shall be provided. 

AEIL£LE Zll - EEEEEESw 

215-4. - FEEDERS WITH COMMON NEUTRAL. 

2 1 5 - 4 (- b > Add to existing p- a r a g r a p ti i 
Delete LbR and substitute the foliowlngy 

All feeder conductors t. o panels shall be installed in an a p p r oe d 
raceway. unless otherwise approved by the 8ui1ding 9ffieia1 
HataP See 210y^ for Cplpr Coding 

AEILSLE ZZQ z EEAHCU-£IB£ULI AME EEEEEE GALEULAILQES^ 
E2.Q-E^- CQUEUIAIIQN QE aRAHEH £LE£ULIS^ 

2 2 0 - 2 (- b )• Add to existing paragraph 
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Add to L^Ll 

In residences, s 15A circuit and 20A circuit may ha\c ten (lOi 
£ o ti e r a 1 lighting o u 11 e t s . 

£LE£ULIS EESULEEE^ 

2 2 0 - 3 b >• f- ^ > Add fc o e X i s t; 1 n g p a r a g r a p h 
Add to paraSraph LbL._ 

A email appliancG circui. t eha]l not food morG than four ( ) 

receptacles. In ki-tehens no a mall appliance f»eeeptaeles on the 
same el re wit shall be adjacentl-- located.- 

ZlQ.zl^ - EEAHCH £LB£ULI£ BEQULEEE^ 

220~3 Add to existing Articlei 
Add paragraph Lel_._ 

( e) Ai r-conditioners, refrigerators, dishwashers, garbage 
disposals, [Dicrowave Qvens,__ ctCj_,__and similar fixed or statrenary 
appliances must liave a separ'ate circuit. 

AEILCLE aiQ ~ SEEILG&S 

- HLBLliG MEIUQES EQE YQLIS NQMLHAL QE LESS^ 

2 3 0 ~ H 3 Amended to r e a d 

Delete and pubsti^tute the fpllowingL 

S e r' V i c G entrance c o n ci u c t o r s shall bo installed in a c c o t'd a n c e 
with the applicable requirements of this Code. All service 
entrance conductors shall bo installed in an approved racGv;ay 
such as rigid conduit, aluminum conduit, intermediate metal 
conduit, E. M. T. and rigid n o n - me t a 1.1 i c conduit, busway, cable 
bus, auxiliary, gutters and wirev/ays, cable tray or mineral 
insulated c a b ] (3. A ?i e 1 e c t r i c a ] ma s t mu s t h e r i g i d o r i n t e r' modi a t o 
metal c o nd u i t a n d s hall b ‘3 a (ni n 1 mu m V. wo i nc h \ 2 ” ) 1 : r a d c s i z e '.j- r' 

more in diameter when us 0(3 as a support mast for ser’/ice drops. 


- GEHEEAL^ 

2 3 0-70 Add io existing A r 11e1^ 
Aid. Lq. ppplIEpppLi L^Li_ 


oa1 -84. doc D5 


Februae;^- 21, 1 8 f: h 








1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 

19 

20 

21 

22 

23 

24 

25 

26 

27 

28 

29 

30 

31 

32 

33 

34 

35 

36 


If eight feet (S') or more of s e r v ice e n t r a n c e con •. j u c tore 
are located inside the building as determined by Section 230-4M, 
a disconnect must be installed at the meter. 

ARILQLK IQQ :: HLELNS MEIH2ES 
laQziLu. z EBQIECILQH AGALMl RUUIQAL 

3 0 G-M Add to existing Article: 

Add. LIQ.^ 2Q.LQ.!LLili2hZ LdL ilQd LstLi_ 

gd)_(e)- Tn concealed lo-cations Vvhere E. S. T. r r P.V.C. l.ud 
in not. nh(3s will nc-t. later be r i s i 1,1 , a steel protection plate, a 

mi n i mum of o ne s i x t e e n t h 1 nc h ( 1 ' 1 6 " ' t. tii -r k ;ha 1 1 bi ns t a 1 1 -a d 
pi'ior' to the a p p 1 i e a i. i to-i u-T wall, c e i 1 j n oi' riocw finish. 

A} i'i'O'.ed ( i gi t a 1 ^''-luluit, Lligid n- n uict.al 1 i • 

conduit, surface metal racewa:,., electrical metallic tubing,^er 
intermediate metal eondui t or c itic t r i_c a !_ OQLLs.[DQ.t.^^l 1-Lil LufcLOE 

r: ha 1 1 be r e q u i r’ e <j t, o e ric a ;: e c v.■ nd uc t or s for 11 gIi t s , heat or po v;e r 

in t li e wiring of building s c o n t a i n i n g three ( 3 ) or more d w e 11 i n g 

u nits and i n c: h u r c li e s , s c h >.3 o 1 s , h o t e 1 s , theatres, public 
bui 1 di ngs, eoinmerci al bui 1 d i ngs, ma/iura(.'t uri ng es tabl i shiments and 
all buildings in the designated fire dist: riot. 

AEILCLE 110. z QQN&UGIQES EQR GENEEAL WLELNG 
aiQiEu. - GQliEUGIQBS^ 

3 4 9-2 Add to existing a r t i e 1 e 
Add naL^graph ycL^ 

(-e>-( 1) Aluminum conductors smaller.' than h'o. 2 A. W. G. shall 

rio t be i ns I rt 1 1 e d . 

f e 2 ) All a 1 u m i n u mi c c- n d u c t o r s s hi a 11 t e r m i n a t e i n a p p r o v e d 

h y press lug a i\ d / o r c o n n e c t r s c o n f o r m i n g t. o t h o rna n u f a c t u r e t' 

f' p e c i f i c a t i o n s a r j d .' o r t h (? A 1 u m i n u m A s s o c i a t i o n ' s 

J ns t a 1 1 a t i o n ma t] u a 1 .). n d d e s i g n g u i d e . 

ic'^(3) Aluminum conductors shall not be used for gr'ounding 

Q.C tondi.ng^_ 


in 
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aiQ-a 


HEI LQC4ILQH5 


3^0-8 Add to existing a r tie1e: 

Add new Ea.nd.Siia.I2h LsLi- 

(c) Conductors to equipment installed out of doors must be 
protected from the disconnect to the equipment by liquid tight 
flexible metallic conduit not over six feet ( b’) in length. 

AEILELE 2E!i z EQHCEALEEL KHQBzAHEzIUEE ELBLUe 

Daiate Article in its entirety^ 

AEILCLE 111 z AEMQEEE GASLE 

AEE EQIE 

EskaL Must be hospital £r< 2 cle wi^th green grounding 
conductor^ 

333- Delete in its entirety 

ARTICLE 336 - NONMETALLIC SHEATHED CABLE 
- USES EERMLIIES QE UQl EEEhllllEE^ 

336-3 Amended bo read:- 

tg existing Ra r agra^h and substi^tute the rollcwgngL. 

LQ.L Type N. M. and M. M. C. shall be restricted to residences of 
not more than two (2) occupancies. Structural members of 

buildings shall not be cut. N. M. cable shall not be used in the 
hollow space of masonry walls or erribedded in masonry unless in an 
approved raceway. When M. M. is installed on top of joists in 

attics, it must be run in a space whiei'e the vertical clearance is 
two feet (2’) or less between the top of the ceiling joist and 

the bottom of t hr oof rafter. M. M. or M. C. , whie n installed o ri 

the sui'face of masonry c o n s t r u c t i o n, or in spaces between furring 
strips, or in any locations whiere thio possibility of physical 
damage could result in any st:;'le c o ns 1 1 'uc t i on, shall be encased 

in approved metal raceway. If a one and a lialf inch (1/2”) E. M. T. 
sleeve is required for protection of an M. M. or N. M. C. cable. 


o n 1 y 

one 

such 

c a b1o shall 

be allov;ed in 

the s 1 0 e *-* e . 

The s 1 e e e 

shall 

be 

p r o 

'/ i d e d with 

a. 9 0 deg r e e 

b e n d in s tali 

e d in t hi e 
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direction of intended c a t) 1 e t ra e 1. 


AEILGLE 2ita z ELECIELCAL MEIALLLE lUELNS 

2ia-l z USE^ 

348-^ Amended feo read;- 
Add to existin;^ Dil!:a£'rilEtl._ 

E. M. T. may be used in concrete except for grade slabs. 

AEIICLE 110. Z EQXES AHE ELIILHa 
ilEzllw z iUHEILQHx. EUEL ANE QUILEI EQKES IQ EE AQQESSLELEu. 

Add to existing paragraph^ 

Above the suspended cepling^ iunction^ P.ull and outlet boxes 
shnii be Lost a lied not more than four (_4i feet above the 
suspended ceiling^ 

AEIICLE 100 z ELEXLELE CQEES AHE CAELES^ 
iQQzZ^ z USES EEEMLIIEE^ 

400-7 Amended to readr 

Qel e t e paragraph (_b)_ and substitute the f oi 1 owingL 

Where used as permitted in sub-sections (a) (3), (a) 6), 

and (a) (8) of this Section, each flexible cord shall be equipped 
V'/i t h an attachment plug and shall be energized from an approved 
receptacle outlet. These cord;: shall not be more than six feet 
>'6') in length. 

iQQLE^ z USES HQI EEEblllEE^ 

400-8 Add fee existing Artielex 
Add Item No^ 6^ 

(6) Wiien connecting equipment out-of-doors. 

AEIICLE ilQ z LieailNQ EIXIUEES^ LAMEHQLEEES^ LAMES.. 
BECEEIACLESi. AME EQSEIIES.. 
itlQzEIu. z EECEEIACLES IH EAME QE HEI LQCAIIQHSw 

ilQzEZLeL Add te existing paragraphs 
Delete ( b) and subst itute the follov-’ing; 
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LbL LQcat i^onc^ A C^IcG^tacle Installed outdoors where 

ox^osed to weather or in other wet locations shall be i_n a 
LnlOEroor enclosure^ the intei^xlty of which Is not affected when 
the receptacle i_s_ i_n use L^ttachment plug cap Los e r t e dL._ 

£2L2.g.Et.i.2D*_ An enclosure that ps weatherproof pnl:^ wben a selfp 
closing receptacle cover ps closed shall be permitted to be used 
£or a receptacle Installed outdoors where the receptacle ps not 
to be used wpth other than portable tools or other portable 
cQ.uipment not left connected to the outlet indefpnptel:^._ 

Receptacles installed out-ef-deers must have weatherproof covers 
and are to fee installed only for portafele tools or other portable 
equipment not usually left connected to the outlet indefinitely.- 

ARILGLE ^LaQ - SELMMLHS EQQLSi. EQUMIALliS 
fiLEQzZ z GQEE ANE ELUS GQHMEGIEE ESUIEMEtll.. 
fe80-7 Amended to readr 

Delete existing and substitute as follows^ 

All electrical equipment installed outdoors or exposed to the 
weather shall be connected to the disconnecting means by liquid 
tight flexible metal conduit. A rain tight disconnect with 
switches or circuit breaker's shall bi'eak all ungrounded 
c ond uc tors. 

EKGEEILQH NQ- Storable pools 

- QiEEUEAB GQHEUEIQE GLEAEAMCE^ 

Delete Exceptions hp._ 1 and Np._ 2 of thps Sectpgn.__ 

z MEIUQES QE SRCUNELHS.. 

68Q~25ia>- Amended to read.'- 

De le t e L^L substitute the f cUgwlngL 

(_aL GENERAL. 

The following provision shall apply to the .grounding of 
underwater lighting fixtures, met.al junction boxes, metal 
transformer enclosures and all metallic electric equipment 
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associated with a pool or fountain; must be grounded by a 
grounded conductor originating at the service entrance equipment. 

ABILCLE ZQa - EMEESEHSI SI5IEMS 

ZQQ-1^ - SEQEE^ 

700-^ Add te existing Artiele^ 

Add new Earagragh^ cross reference Standard Building Code 
Section 5.0.6^ As amended.- 

(a) A standby on-site power generation system conforming to 
N. F. P. A. 70 in general and M. F. P, A. 700-12 (b) Generator Get, as 
revised herein, shall be provided in all buildings more than four 
(4) stories or fifty feet L5QLi forty (-AOPabove the average grade 
except factory, industrial and storage occupancies. 

OGress reference Standard Building Code Addendum 

Il£t£L Sec ZQ.Q_12 for location of emergency £eneratgr 
and related eguipment^ 

708-7 Add to exi.sfeing Al'btele^ 

fai All wiring shall be run in approved metal lie raeeway.- 

ZQQza^ z HLELBS.. EMEBSEEEl SISIEMS^ 

Add to existing Earagraphy 

All wiring shall be run in aEnroyed metallic raceway._ 

E^EEEXLQEl Fire rated cables may bg used subject to apEroyal by 
the Building Qrficial,_ 

ZaQzlEu. z GEMEEAL EESULBEdEEIS^ 

70O-12ib.'-f1)- Add to existing sub-paragraph;- 
Add to subEaragraph (_bi (_1L^ 

and related §. 9 .u^ 2 ment [DUst be 
isolated in a sonarate room or outsi.de 3 ,wa^ irom normal 
EQwer and other e QLU i. 2 Q[]o O t ^ 


3n 


ea1 . doc DZ 


February 21, 1986 






1 

2 

3 

4 

5 

6 

7 

8 

9 

10 

11 

12 

13 

14 

15 

16 

17 

18 

19 

20 

21 

22 

23 

24 

25 

26 

27 

28 

29 

30 

31 

32 

33 

34 

35 

36 


LbL GfiHEBAIQB 5EI 


LIL System supervisions devices with manual start and 
transfer features, shall be provided at a Central Control 
Station. All power lighting signal and communications facilities 
provided under the requirements of this Section shall be 
transferable to the standby system. 

LaL^aal STANDBY POWER LOADS 

The following loads are classified as standby power' loads. 
The transition time from the instant of failure of the normal 
power source to the generator source shall not exceed sixty ( 60 ) 
seconds except as noted for hospitals in paragraph 7 0 0 - 6 ( b) 1 ^ 

The standby power generator shall be sized to supply the 
f ol 1 owi ng: 

LlLi" The elevator required under' Section 506.7 LagtS-'- of 
the Standard Building Code as amended. 

L2Lii- Mechanical a i r'■ ha nd 1 i n g systems required to be 
operating during an emergency. 

LlLtii- Fir'e pumps. 


Lbl^-hby EMERGENCY POWER LOADS 

The transition time from the instant of failure of the 
normal power sour'co to the generator source shall not exceed ten 
(10) seconds unless otherwise specifically noted. The following 
loadr; are classified as Emergency Power’ Loads; 


LlLi-- 

LZliir 

LlLii-i ■- 
LitLiv.- 
L5Lv.- 
LbLvi.- 


Voice alarm system. 

Voice communication system. 

Fire alarm systems. 

Fire detection systems. 

Elevator car lighting. 

Escape route lighting and exit sign illumination 
wliich shall both operate within one (1) second. 


3 5 
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LllLQUUMl HQ_ 1 


Ani: building or structure other than one (_1L or two LZh faffiilx 
dwellings^ and any bui.ldi.ng uEon ang farm for the use of ang 
farmeri, shall be designed bg an architect or engineer legallg 
registered under the laws of the State of Florgdai_ regulating the 
ELactiee of architecture aijd engineering and who shall affix 
their seai and signature and the date of said drawingSi_ 
sEEcifications and accomganging data^ Excegt ghat ang Eieoirgcai 


oont.rgcior whore Eragiige i,s iLig Llgsg^jU and fabrgggt_gga gf 
electrical sgstenis which he lQslallSi_ bg virtue of haging 
EUalifiod under State Statutes or ang special act or ordinancei_ 
CDag design the electrical sgstem of ang new building or addition 
which reguircs ati aggregate service cggacitg of 6 00 amgc r e s LI iQ 
voltsl er less on a residigntial electrical sgstem or 800 amgeres 
LZ.^Q. voltsl or less on a commercial or Industrial electrical 
S.jLS,tom and which costs less than $5.0i_0 00j_00j_ is not reguired to 
register under the Erogisigns of s^s^ ?LZ1-_Q0 lg4 ll._0 g'l as a 
registered engineer^ 
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SECTION 3. 


C A PTI ONS. 


The captions, section headings, and section designations 
used in this C o d ci s e intended Tot’ convenience o T u s e i's o n ]. i' and 
shall have no efi’ect on the interpretation of the provisiotis 'or 
this Ordinance. 

SECTION 4. PRPEAL OF LA'^S IN CONFLICT. 

All local laws and ordinances applying to Palm 3each County 
in conflict with any provisions of this ordinance are hereby- 
repealed. 

SECTION 5. .NEVER ABI LI TY. 

Should any section, paragi-aph, sentence, clause, or word of 
this ordinance be held to bo unconstitutional, inoperative, or 
void, such holding shall not affect the validity of the remainder 
of this ordinance. 

SECTION 6. IHCLU.SIOM It: CODE. 

The provisions of this ordinance shall become and be made a 
part of the Code o f La ws and 0r d i nanc e r: v*f Pci 1 ir( Beach County, 
Florida, and the various sections may be retitled, renumbered, or 
relettercd to accomplish tiiis purpose. 

SECTION 7. APPLICABILITY 

This Ordinance shall be effective in the unincorporated 
areas of Palm Beacii County,' and the amendments adopted by this 
Ordinance shall apply as far as possible to any future editions 
of the National Electrical Code wliich may be adopted by the State 
or County for Palm Beach Count j- until sU'-'h t i m<? Paliri Beach County- 
may adopt new amendments. 

SECTION 8. EFFECTIVE DATE. 

The pro-visions of this ordinance shall become effective upon 
receipt of acknowledgment by the Department of State .of the State 
of Florida. 
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